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GAS SAFETY CERTIFICATE 


This form can be used as a Landlord’s gas safety certificate 


- A 


Engineer Contract Number OOS Landlords Details If Different 
Gas Safe Car Customer Name Groje Name 
Engie Office Address Site Address Gene Halls i Ui, i f ga Address 
id. Siwelferd Enter Company 
Postcode S\o 24a Postcode Registration 
Received By Signature Rented Accommodation(VESINO Number 
Landlords | Service Ss Appliance Details 
App bone ea n Location alr Type : Model Serial Number | Burner Manufacturer aueilype 
1 | Gos wen | Wc copy 2 Geel, Sysiem Veisman 33K Wi444.6 | Veissmun. 
2 diriryoxa clo © cS Voissman 2. Gkos WIGS43 | Ueissimen 
3 Lending Seer culo T GaeT, Sysian \WRiss~mey 2G Kus THIGHS | Ueiss morn 
* | ‘Ws lnsgecien WiC Perccomind [Gere & Vessmen Zokw 1S10)406 | Voi a 
————1 


General Safety Checks 


Result | General Safety Checks 


Gas Satety Certificate 


Result Ventilation 

Gas booster/compressor operating correctly Flue termination satisfactory (Yes/No/NA) Low level free area cm? or ventilation flow rate inlet m'/h Actual WA Required (Calculated) 

(Yes /No/NA) NS Yo =. 

Is there @ current gas installation line diagram at Has a tightness test been carried out from local = F 

brimary meter (Ves/No/NA) Ys, isolation valve (Yes/No/NA) Aa High level free area cm? or ventilation flow rate extract m’/n | Actual VW Required (Calculated) a 

Is the meter installation correct (Yes/No) 's gas pipework electrically bonded (Yes/No) All ventilation grills clear and unobstructed (Yes/No} t Fans and/or flue interlocks operating correctly (Yes/No/NA) 

> vy 

Gas Installation pipework adequately supported| ; Are adequate emergency isolation valves fitted ‘ ry i a 
(Yes/No) “os (Yes/No) Y> Details of any faults Remedial Action Taken Comments and calculations 

Gas Installation pipework sleeved and sealed as ‘Are emergency valve handles in place and 

appropriate (Yes/No) | 41> _| tabelied (Yes/No) o> : 

peat Tt COIS Porid or ankmed Ww Do valves fall to the correct position (Yes/No) Upp 

sy Lape ha cameaieaianiate Ups _| Area clear of combustible materials (Yes/No) | Yes 
[Ap liance Checks App tor | App2or | Appsor | App4or App tor | App2or | App3or | App4or App tor | App2or | Appaor | App4or 

P! App 1 High| App 1 Low | App 2 High | App 2 Low App 1 High] App 1 Low | App 2 High | App 2 Low App 1 High| App 1 Low | App 2 High | App 2 Low 
Flue flow test satisfactory (Yes/No/NA) Yo 5 us Wes Ges is Bee pressure (mbar) or heat input kW/h - A ch a: Carbon Dioxide (CO,) (9%) ay x €<% [8 G GO 
+ 
Spillage test satistactory (Yes/No/NA) Yoo Ww Gs cane pressure (mbar) or heat input sai nx a A a Excess Air (96) 4 WA 2g $2 
‘ee “ — aml 
Air/Gas switch operating correctly [Yes/No/NA) Gas rating measured (kW/h / NA) ws COICO, Ratio 2 cos |.0007 | cook 
Flame proving devices operating correctly = ae» = ‘es — a - r q 2 as 
y 
(Yes/No/NA) Us > “es % ’ & > Air/gas ratio contro! setting (6/NA) NS wa ve) al Gross Efficiency (%) ag C4 i} as 
Net flue gas temperature (gross less ambient) . 

Burner lock out time (seconds) 106 a) 100 4 | ¢<) | 28 1% iw] 1g CO flue dilution ippm) ray WA L ~~ IrAY 
Temperature and limit thermostats operating PA 

correctly (Yes/No) Yor tw [we %G._| Oxygen (02 %) GK | S4 | FQ | S.2 | Stancing presse mbar 2d |14 = |24 «| 24 
Heat net input rating data (kW) MM 4 Va Ww ‘Carbon Monoxide (COKppm) z ne 4 \ Ss) og Working pressure (mbar) 20 10 q. } Pan 

; liance safe fes/No) 
Worksheet No (if used) . Declaration of gas safety - | confirm that all of the above work described on this form has been satistactorily ts appliance for uss J “Gs ‘o> Yes ‘w~ 4 
i (365376¢ completed in accordance with the current Gas Safety (installation and use} requlations, standards and procedures Has a warning advice notice been raised 
(No or Warning notice Ser No or No’s) And 

Speck iy rice bate 26 16 _ 

Chpore yf ae u Test Instrument Aner Vi og 

Entered on database Ki Test Instrument serial number UO0 DO, E28 


Distribution; White - Customer, Yellow - Service Centre, Pink - Site, Green - Engineer 
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